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1 . POST CONDUCTED ROUTINE FIVE HOUR TEST UNDER LOAD 
WITH EMERGENCY POWER WITH RESULTANT ROOM TEMPERATURE 
OF ONE HUNDRED TEN DEGREES. GENERATOR NOT STALLED 

BY OVERHEATING AS IN PREVIOUS TESTS, PROBABLY DUE 
LOWER AMBIENT TEMPERATURE. REQUEST SURVEY BY EN- 
GINEERS TO DETERMINE SUITABLE RELOCATION SITE TO 
SATISEY REQUIREMENTS; 

A. PROVIDE AIR INTAKE TO PREVENT OVERHEATING 
AND RECIRCULATING TOXIC EUMES. 

B. ALLOW DIRECT EXHAUST RUN TO PREVENT FURTHER 
DAMAGE TO MUFELER AND EXHAUST VALVES. 

C. SEPARATE FUEL TANK EROM PROXIMITY WITH EX- 
HAUST. 

D. PROVIDE FORCED AIR VENTILATION OPENING, BUT NOT TO 
STREET AS PRESENT WHICH LEAVES SYSTEM VULNERABLE TO 
SABOTAGE. 

2. EMERGENCY LIGHTING NEEDS REPLACEMENT WIRING AND 
NEW SOCKETS DUE WEATHER AND HEAT EFFECTS, WHICH HAVE 
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Deciassified/Reieased US Department of State EO Systematic Review 30 JUN 2005 



Declassified/Released US Department of State EO Systematic Review 30 JUN 2005 


3. POST NEEDS TWELVE S&G 8077 PADLOCKS. 
BATJER 
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